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with all piping, ventilating devices, manholes, valves, siphons,
and regulating apparatus necessary for operation under all con-
ditions as shown on the plans, all complete and connected to
the present sewer.

The grit chamber shall be arranged to receive the raw sewage
from the sewer, retain the heavy solid matter and pass the floating
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Fig. 43 (continued).

and suspended matter into either one or both of two of the septic
tanks, over weirs controlled by sluice gates. There being ample
fall available in the site selected, the bottom of the sewer shall
enter this grit chamber six inches higher than the top of the
weir. The level of the liquid in the septic tanks shall be about
six inches below the weir. By this means the formation of a